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March 3, 1894 

Mr. W.C.L. Eglin 
Chief of Relic Dept. 

Dear Sir 

The grounds on the wires of the U.S. Mint have been cleaned by Walker & Kepler, all 
now testing clean. There were several causes, viz: puncture grounded, one place when the wire 
passed through the wall, and the cutouts with their current was coated with what seemed to be 
metallic dust. 

Yours Respy, 

Ned Prettor 



